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PLAN - 75th FL - SS-75N 

(OTHER SUBSTATIONS SIMILAR) 


NOTE S 


IE- U FOR GENERAL NOTES, ASSRtVlATlOMS 

Schedule see owe e-2. 


1. FOR LEGEND SEE DWG 
AND UCHTINC FIXTURE 

2. THIS DRAWING TOGETHER WITH OWC. fCS-1 DESCRfflCS W GENERAL 

"E STAGE I SEQUENCE OF INSTALLATION FOR A TYPICAL SUBSTATION . 
(FOR DETAILS SEE INDIVIDUAL SUBSTATION DRAWINGS.) 

3. THE r»STtNG SUBSTATION MUST REMAIN tti SERVICE DURING CONSTRUCTION. 
THE CONTRACTOR SHALL PRCWE PROPER SWELHNG TO PROTECT AGAINST 
DAMAGE AND PREVENT OUST FROM ENTERING ELECTRICAL EQUIPMENT. 

4. FURNISH AND INSTALL TEMPORARY POWER EQUIPMENT FOR ASBESTOS 
ABATEMENT AS SHOWN IN ONE LINE DIAGRAM "A". THE CONTRACTOR 
SHALL DISCONNECT ALL TEMPORARY EQUIPMENT INCLUDING CONOUfT 
AND WIRE UPON COMPLETION OF ABATEMENT. EQUIPMENT MAY BE 
RE-USED AT OTHER SUBSTATIONS. 

5. ALL ELECTRICAL OUTAGES SHALL BE PERFORMED OUTSIDE NORMAL 
OPERATING HOURS. SEE SPECIFICATIONS. DIVISION 1 ENTITLED 
"CONDITIONS AND PRECAUTIONS" FOR DESCRIPTION OF ELECTRICAL 
POWER OUTAGE CATEGORIES. 


SCHEDULE - SEQUENCE OF INSTALLATION - STAGE T 

STEP 

DESCRIPTION OF WORK 

OUIAGE AT SUBSTATION (SEE NOTE #5 

REMARKS 

CATEGORY 

LOAD LOST 

<S> 

INSTALL PANEL DP-75N WITH TEMPORARY FEEDER, 30KVA, 480-208/120 VOLT 
TRANSFORMER AND PANEL LV-75N. (PROVIDE TEMPORARY POWER FOR ASBESTOS 
ABATEMENT, SEE ONE LINE DIAGRAM V) 

- 0 - 

- 0 - 

TEMPORARY FEEDER FROM SPARE 
CKT. BKR. AT EXIST. SWITCHGEAR 
TO DISTRIBUTION PANEL. 

® 

INSTALL ELECTRICAL EQUIPMENT FOR REPLACEMENT HVAC UNIT ACS- 75-1 & 
REPLACEMENT RETURN FAN E-75-21 WITH POWER FROM PANEL 0P-75N. 

- 0 - 

- 0 - 

SEE OWC. |E- 108 


REMOVE ELECTRICAL EQUIPMENT FOR EXISTING HVAC UNIT 
ACS-75-1. ic EXH. FAN E-75-21. 

- 0 - 

- 0 - 


® 

REMOVE AND/OR RELOCATE ELECTRICAL EQUIPMENT ON WALLS 
BEING REMOVED AND IN THE WAY OF STAGE B & B EQUIPMENT. 

- 0 - 

- 0 - 



INSTALL OR RELOCATE ELECTRICAL EQUIPMENT ON WALLS. CEILINGS, ETC. 

- 0 - 

- o - 



INSTALL ELECTRICAL EQUIPMENT FOR REPLACEMENT HVAC UNIT ACS-75-N 
WITH POWER FROM PANEL DP-75N. 

- 0 - 

- o - 


© 

INSTALL 150 KVA TRANSFORMER IN EMERGENCY POWER 
TRANSFORMER ROOM WITH ASSOCIATED EQUIPMENT. 

- B - 

EMERG. LTG.. J2 ROORS 

SEE KEY PLAN FOR LOCATION OF 
EMERG. POWER TRANSFORM. ROOM. 


INSTALL TEMPORARY LIGHTING. 

- 0 - 

- 0 - 
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ONE LINE DIAGRAM "A" 

TYPICAL FOR ALL SUBSTATIONS EXCEPT SS-41S 
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